GAS SAFETY CERTIFICATE 


This form can be used as a Landlord’s gas safety certificate 


Contract Number COS Landlords Details If Different 
Customer Name Eng} @ Name 
Ste Address Gaus Hols 0.5, P.M, Address mmo 
Suutield Enter Company 
Postcode S30 2c Postcode Registration 
Received By Signature Rented Accommodation (ESNo Number 
Landlords Service Appliance Details 
App| appliance | Inspection . 3 Flue Type 
Yes/No Repair Location Type Model Serial Number Burner Manufacturer (OF/RSIFL) 
= 
2 = 7 ; 
Ti ie Inspection | Wie Geod 9. — [GenxO, Susiemy Verssean , 2G ws WIGSGS Ueissmon | gs 
2 | Ws Insgackien | Loving oreo of S  [GewS, Ssh Veiner , G6kie | 267 1S; Laisamon gs 
2 | Yes inspection |LowingArwmomel [GewP, Se ’ Ki WENC Veissmen . es 
) . 2 
4 | Ms Insgactien | Loin Pereom al | Que, Sysken Veissmen , 6GK Wo Wey Unisn Mery 6s. 
r 
General Safety Checks Resut | General Safety Checks Result Ventilation 
re 7 aaa PEO SREY, > Flue termination satisfactory (Yes/No/NA) Yes Low level free area cm? or ventilation tlow rate inlet mi/h Actual we Required (Calculated) /V) 
eee ba SNA, ibinnas palais Het elt a an Sukie noel Yo High level free area crn? or ventilation flow rate extract m’/n Actual mo Required (Calculated) nd mae 
\s the meter installation correct (Yes/No) Js gas pipework electrically bonded (Yes/No) All ventilation grills clear and unobstructed (Yes/No) Fans and/or flue interlocks operating correctly (¥es/No/NA) 
Ye Yes as 
Re eeren| Rese | ree atam emer aonry iokaon vege tee Ws, Details of any faults Remedial Action Taken Comments and calculations 
Gas Installation pipework sleeved and sealed as| Are emergency valve handles in place and 
appropriate (Yes/No) Yo» _| labelled (Yes/No) “oy 
eT aaa Yes | Dovalves fail to the correct position (Yes/No) | Ys 
Secor RRO ee Yes Area clear of combustible materials (Yes/No) | Ypy 
j ‘App tor | App2or | Appdor | App4or App ‘App tor | App2or ] AppSor | App4or 
Appliance Checks App 1 High| App 1 Low | App 2 High] App 2 Low [app 1 App 1 High] App 1 Low | App 2 High| App 2 Low 
Flue flow test satistactory (Yes/No/NA) Yos es Us Ms Ce ener pressure (mbar) or heat input kW/h WA q A % a $ 6 q & 
Spillage test satistactory (Yes/No/NA) Ye %Gy ws %s cel ulnar renin Srebery or ees MeN: ~ Excess Air (3) So ww 30) 27 
Air/Gas switch operating correctly (Yes/No/NA} | “(gy ‘wo Ys Yo) _ | Gas rating measured (kWh / NA) Ms COICO, Ratio ooo S$ 0664 | 0003 0004, 
Bae rs devices operating correctly Ys bs © YY _| Airdaas ratio control setting (2¢/NA) BN Gross Efficiency (%) a% [Xe os 4g 
Burner lock out time (seconds) 120 ico | 46 120 i ie aes emrasidcea | CO five dilution ippm) ie] Ea) A | A 
Temporaiure and limit thermostats operating 7 
comectly (Yes/No) “Gs Yeo Yo> Key | Oxygen (02 96) 4 Bey Standing pressure (mbar) 24 L 24 14 24 
Heat net input rating data (KW) wm wv wv nw Carbon Monoxide (COXppm) 4% Working pressure (mbar) 20 1G 20 2a 
== = IN = | 
Worksheet No (if used) Declaration of gas safety - | confirm that all of the above work described on this form has been satisfactorily ts epplance safe for use [Yea/No} wy Yes es ‘es 
13658164 completed in accordance with the current Gas Safety (installation and use) regulations, standards and procedures. Has a warning advice notice been raised 
iia eee — - (No or Warning notice Ser No or No’s) wa 
Checked by (office use) | Date 2% 19. —— Test Instrument Aken VIO 
oy eal | Signature Test Instrument serial number e,@, 0) NE S340 


¢ 


Distribution: White- Customer, Yellow - Service Centre, Pink - Site, 


Green - Engineer 


— = 
Gas Safety Certificate C-HS-F-002 


Version vo! 01 


rh 


Version Date: February 2015 


Security Classification: Unciassified 


os 


